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October 31,2019 
S. O. No. 0423-04-68 


Ms. Renee Diehl 

Pennsylvania Department of Environmental Protection 
Southwest Regional Office 
400 Waterfront Drive 
Pittsburgh, Pennsylvania 15222 

Subject: Township of Neville (PSWID 5020029) 

Public Notification Certifications 

Do Not Use The Water - October 22, 2019; October 23, 2019; 
October 24, 2019 and October 25, 2019 


Dear Ms. Diehl: 

On behalf of Neville Township, transmitted herewith are the Public Notification (PN) Certifications for 
the “Do Not Use Water”, “Do Not Drink” and “Problem Corrected” notices. 

During routine meter reading post-processing on October 22, 2019 for an industrial user located at 
2895 Grand Avenue, Pittsburgh, Pennsylvania, 15225 (Watson Standard), Township Staff observed a 
metered backflow of approximately 2,000 gallons. Upon review of the service, the backflow was 
observed to directly connect to the fire suppression system which included a direct connection of a fire 
suppression foam comprised of National Foam Universal Gold 3% (copy of the MSDS sheet is provide 
as Attachment A). A double check detector was observed for this service and reported by the property 
owner to have been tested as recent as July 2019. Subsequently, the water service was closed (valved 
off) from the public water system on October 22, 2019. 

The Pennsylvania Department of Environmental Protection (PaDEP) was notified of the situation and a 
“Do Not Use The Water” notice was issued on October 22, 2019. Copy of this notice and the PN 
Certification form are transmitted herewith as Attachment B. The following methods of public notice 
were utilized: 

1. Door to door notification 

2. Reverse 911 system 

3. Media alert through the Allegheny County Emergency Services 
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4. Telephone call to special needs residents and critical facilities 

5. Posting on the Township website 

Emergency sampling was completed by PaDEP on October 23, 2019. In addition, as requested in 
consultation with PaDEP, poly- and perfluoroalkyl substances (PFAS) sampling was also completed on 
October 23, 2019. After consultation with the Township and PaDEP, the “Do Not Use The Water” 
notice was revised to a “Do Not Drink The Water” notice. Copy of this notice and the PN Certification 
form are transmitted herewith as Attachment C. 

On October 25, 2019, results of the PFAS sampling were reviewed and in consultation with PaDEP, 
the “Do Not Drink The Water” notice was revised to a “Problem Corrected” notice. Copy of this 
notice and the PN Certification form are transmitted herewith as Attachment D. Copy of the PFAS 
sampling results are transmitted herewith as Attachment E. These were also submitted to email to 
PaDEP on October 25, 2019 upon receipt. 

At this writing, the fire suppression service in question remains closed (valved off) from the public 
water system. The property owner was placed on notice and advised that removal and replacement of 
the existing double check with a Reduced Pressure Zone Device (RPZD) is required to reinstate the 
service. 

Should you have any questions, please call. 

Sincerely, 



Attachments 

cc/att: Jeanne M. Creese, Manager/Secretary - Neville Township 

Mark Stewart, Public Works Leader - Neville Township 
Charles M. Means, Esquire - Township Solicitor 
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ATTACHMENT A 


NATIONAL FOAM UNIVERSAL GOLD 

3% MSDS 
















ID National Foam 

P.O. Box 270, Exton, PA 19341-1350, USA 
Ph. 610-363-1400 Fax 610-524-9073 
mvw.nationalfoaxn.com 

MATERIAL SAFETY DATA SHEET #MS420 
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A 

UNIVERSAL GOLD 1% / 3% 

ALCOHOL RESISTANT AQUEOUS FILM FORMING FOAM (AR-AFFF) Liquid 

Concentrate 


Section 1. CHEMICAL PRODUCT/COMPANY IDENTIFICATION 
Material Identification 

Product: Universal Gold 3%, Fire Fighting Foam Concentrate 
Synonyms: Alcohol Resistant Aqueous Film Forming Foam (AR-AFFF) 
CAS No: Mixture - No single CAS # applicable 

Company Identification 

Manufacturer: 

NatifiifeUBp.aniJhc.—— a - •—■ •• 

150 Gordon Drive 
P.O. Box 270 
Exton, PA 19341-1350 

Emergency Phone Number (Red Alert): (610) 363-1400 (U.S.A) 

Fax (610) 524-9073 


Section 2. COMPOSITION / INFORMATION ON INGREDIENTS 


Components 

Water 

(2-Methoxymethylethoxy) Propanol 
Proprietary mixture of synthetic detergents 
Fluoroalkyl Surfactant 
Polysaccharide 


CAS Number 

7732-18-5 

34590-94-8 

No single CAS # applicable 

34455-29-3 

11138-66-2 
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- Section 3. HAZARDS IDENTIFICATION 
Potential Health Effects 

Inhalation 

Vapors are minimal at room temperature. If product is heated or sprayed as an aerosol, airborne 
material may cause respiratory irritation. 

Skin Contact 

Contact with liquid may cause moderate irritation or dermatitis due to removal of oils from the 
skin. 

Eye Contact 
Product is an eye irritant. 

Ingestion 

Not a hazard in normal industrial use. Small amounts swallowed during normal handling 
operations are not likely to cause injury; swallowing large amounts may cause injury or 
irritation. 

Additional Health Effects 

Existing eye or skin sensitivity may be aggravated by exposure. 

Carcinogenicity Information . 

No data available. 

Section 4? FIRST AID MEASURES 
Inhalation 

No specific treatment is necessary since this material is not likely to be hazardous by inhalation. 
If exposed to excessive levels of airborne aerosol mists, remove to fresh air. Seek medical 
attention if effects occur. 

Skin Contact 

In case of skin contact, wash off in flowing water or shower. Launder clothing before reuse. 

Eye Contact 

In case of eye contact, flush eyes promptly with water for 15 minutes. Retract eyelids often to 
ensure thorough rinsing. Consult a physician if irritation persists. 

Ingestion 

Swallowing less than an ounce is not expected to cause significant harm. For larger amounts, do 
not induce vomiting. Give milk or water. Never give anything by mouth to an unconscious 
person. Seek medical attention. 
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’' Section 5. FIRE FIGHTING MEASURES 

Flammable Properties 
Flash Point - Not applicable 

Fire and Explosion Hazards 

Avoid contact with water reactive materials, burning metals and electrically energized 
equipment. 

Extinguishing Media 

Product is an extinguishing media. Use media appropriate for surrounding materials. 

Special Fire Fighting Instructions 

This product will produce foam when mixed with water. 
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Section 6 . ACCIDENTAL RELEASE MEASURES 
Safeguards (Personnel) 

NOTE: Review FIRE FIGHTING MEASURES and HANDLING (Personnel) sections before 
proceeding with clean-up. Use appropriate Personal Protective Equipment during clean-up. 

Accidental Release Measures . 

Concentrate * 

Stop flow if possible. Use appropriate protective equipment during clean up. Fonsmall volume 
releases, collect spilled concentrate with absorbent material; place in approved container. For 
large volume releases, contain and collect for use where possible. Flush area with water until it 
no longer foams. Exercise caution, surfaces may be slippery. Prevent discharge of concentrate to 
waterways. Disposal should be made in accordance with federal, state and local regulations. 

Foam/Foam Solution 

See above. Flush with water. Prevent discharge of foam/foam solution to waterways. Do not 
discharge into biological sewer treatment systems without prior approval. Disposal should be 
made in accordance with federal, state and local regulations. 


Section 7. HANDLING AND STORAGE 
Handling (Personnel) 

Avoid contact with eyes, skin or clothing. Avoid ingestion or inhalation. Rinse skin and eyes 
thoroughly in case of contact. Review HAZARDS and FIRST AID sections. 

Storage 

Recommended storage environment is between 35°F (2°C) and 120°F (49°C). Store product in 
original shipping container or tanks designed for product storage. 
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Section 8. EXPOSURE CONTROLS/PERSONAL PROTECTION 

Engineering Controls 
Special ventilation is not required. 


Personal Protective Eouinme.nt 

Respiratory 

SSIhXTf Umi t s (OSHA-PEL and ACGJH-TLV) have not bean detemtined for 
specMisT' Th d f reSpm,ory P rotectlon should be evaluated by a qualified health 


Protective Clothing 

Rubber or PVC gloves recommended. 


Eye Protection 

Safety glasses, face shield or chemical splash goggles must be worn when possibility exists for 
eye contact. Contact lenses should not be worn. Eye wash facilities are recoZendld 

Other Hygienic Practices 

Sr? 1 hygiene practices. Wash hands before eating, drinking, smoking or using 
toilet facilities. Promptly remove soiled clothing and wash thoroughly before re-use. § 

Exposure Guidelines 


Exposure Limits- 

(2-Methoxymethyl ethoxy) Propahol(34590-94-8) 

PEL(OSHA) 

100 ppm, 8 hr. TWA Skin 
150 ppm, 15 min. S TEL Skin 


TLV (ACGJH) 

100 ppm, 8 hr. TWA Skin 
150 ppm, 15 min. STEL Skin 


Section 9. PHYSICAL AND CHEMICAL PROPERTIES 


Physical Data 
Boiling Point: 
Vapor Pressure: 
Vapor Density: 
Melting Point: 


Not applicable 
Not applicable 
Not applicable 
Not applicable 
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Evaporation Rate: 
Solubility in Water: 
pH: 

Specific Gravity: 
Odor: 

Form: 

Color: 


<1 (Butyl Acetate =1.0) 
100 % 

8.0 

1.025 @25°C 
Mild, pleasant 
Viscous liquid 
Amber 


Section 10. STABILITY AND REACTIVITY 

Chemical Stability 
Stable. 

Incompatibility, Materials to Avoid 

Avoid use of product on burning metals, electrically-energized equipment and contact with water 
reactive materials. 

Polymerization 
Will not occur. 
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Section 11. TOXICOLOGICAL INFORMATION 
Mammalian Toxicity 

Ingestion 

This material was not toxic when administered to Wistar Albino rats at an acute oral dose of 
5g/kg body weight. 

Eye 

Animal testing indicates this material is a primary eye irritant when tested undiluted on New 
Zealand Albino Rabbits. 

Skin 

Animal testing indicates this material is not a primary skin irritant when tested undiluted on New 
Zealand Albino Rabbits. 

Inhalation 

No data available at this time. 

Carcinogenic, Developmental, Reproductive, Mutagenic Effects 
No data available on this material. 
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Section 12. ECOLOGICAL INFORMATION 
Ecotoacoiogical Information Aquatic Toxicity 

than 500°ppm. ^ ^ ^ Mn ” 0WS (pime P ha,es Pamelas) is reported to be greater 

Environmental Fate 
BODj 91,500 mg/kg 
COD 290,000 mg/kg 
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Section 13. DISPOSAL CONSIDERATIONS 

S Howevcrita Z ° r Wdous wa!te » Prized by 40 

otherwise different from Federal reguSions” 1 Thereto ? Sp ?f ,1 l may be nlore restrictive or 

solution S ^ 0U i d contacte d di^osal^ofwaste fran^cotmentrat^orfoant/f^n 101 ^ 

Concentrate 

Sy T S T h0Ut prior app ™l. Specific 

acceptable to the treatment plant may be helpful” Do notfl^fTf 6 rate ° r antlfoamin H agents 
made in accordance with federal, state and local reflations yS ‘ D,Sp0Sal should be 

Foam/Foam Solution "* s -- 

biological Wa ?? wa,er treataent fecilities. Discharge into 

BOD load. Dilution will reduce BOD and rnnV^ Pn ° r approval S P ecific concerns are high 

;=s==== 55 S 2 r 

SsSssSaSiSSraaas, 

information on the disposal of drums used for shinnino n * 10118 Foam ’ can aIso P r °vide 

Foam’s Risk Management Administrator at (610) NatbnaI 

. .. ,, liuormation. 

*niiinn u» i m i .i.,.M P , l ! {!Illt , t . . 


. . U ll .l.im.HIIUHt. Timi 

Section 14. TRANSPORTATION INFORMATION 
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Shipping Information 

° rl =^ sho ,., cu ss60 

Hazard Class: None 
UN Number: None 
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Section 15. REGULATORY INFORMATION 

U.S. Federal Regulations 

Toxic Substances Control Act (TSCA) 

All components of this product are listed in the TSCA inventory. 

Superfund Amendments and Reauthorization Act of 1986 (SARA), Title HI 

Section 302/304 

There are no components of this material with known CAS numbers which are on the 
Extremely Hazardous Substances (EHS) list. 

Section 311 & 312 

Based on available information, this material contains the following components which 
are classified as the following health and/or physical hazards according to Section 311 & 
312: 

(2-Methoxymethylethoxy) Propanol 34590-94-8 (Flammability) 

Section 313 

This material does not contain any chemical components subject to Section 313 reporting 
requirements. 

COMPREHENSIVE ENVIRONMENTAL RESPONSE, COMPENSATION, AND 
LIABILITY ACT (CERCLA)' __ 

This material does not contain any components''subject,16 the 'reporting requirementaof ’ 
CERCLA. 

OTHER REGULATORY INFORMATION 
None. 

STATE REGULATIONS 

PENNSYLVANIA RIGHT-TO-KNOW HAZARDOUS SUBSTANCES LIST 

PA Hazardous Substances present at levels greater than 1%: 
(2-Methoxymethylethoxy) Propanol 34590-94-8 
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Section 16. OTHER INFORMATION 


NFPA Rating 

Health 0 
Flammability 0 
Reactivity 0 

ADDITIONAL INFORMATION 
Revision Summary 

2/5/99 Added MSDS number, updated Sections 1,3,4,6,7,9,11,12,13,15. 

6/23/97 Updated Section 2 and Section 3. 

8/21/95 Revised to ANSI format. 

For further information, see National Foam Product Data Sheet for Universal Gold 1 % / 3% 

The information contained herein is furnished without warranty either expressed or 
implied. This data sheet is not a part of any contract of sale. The information contained 
herein is believed to be correct or is obtained from sources believed to be generally reliable. 
However, it is the responsibility of the user of these materials to investigate, understand 
and comply with federal, state and local guidelines and procedures for safe handling and 
use of these materials. National.Foam, Inc. shall pot be.liahls for any loss m? rising 

directly or indirectly from the use of this product and National Foam, Die. assumes no 
obligation or liabilities for reliance on the information contained herein or omissions 
herefrom. 

February 5, 1999 
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ATTACHMENT B 

“DO NOT USE THE WATER” / 
PN CERTIFICATION (10-22-2019) 








3930-FM-BSDW0076 Rev. 4/2019 



Pennsylvania 

DEPARTMENT OF ENVIRONMENTAL 
PROTECTION 


COMMONWEALTH OF PENNSYLVANIA 
DEPARTMENT OF ENVIRONMENTAL PROTECTION 
BUREAU OF SAFE DRINKING WATER 


PUBLIC NOTIFICATION (PN) CERTIFICATION FORM 

Public Water System Name: Township of Neville _ PWSID Number: 5020029 

Date of Violation/Situation: 10/22/2019 _ 


Description of Violation/Situation: “Do Not Use The Water”, Industrial water meter recorded a backflow on/or about 10 - 
22-2019. The content of this backflow was determined to originate from a fire suppression system. 


Notified DEP (or CHD) within 1 hour Date or NA: 10/22/2019 

Consulted with DEP within 24 hours Date or NA: 10/22/2019 

PN Level: [3 Tier 1 □ Tier 2 □ Tier 3 

Type of notice addressed by this certification: [X] Initial □ Repeat 

Methods and date of public notice deliveries to customers: 


Method: Door-to-Door distribution to all customers _ 

Method: Reverse 911 System _ 

Method: Media Alert through Allegheny County Emergency Services 
Method: Phone call to Special Needs Residents and Critical Facilities 
Method: Posting on Township Website _ 


Date: 10/22/2019 
Date: 10/22/2019 
Date: 10/22/2019 
Date: 10/22/2019 
Date: 10/22/2019 


13 The public notice included the required elements: a description of the violation/situation; potential health effects; 
the population at risk; if alternate water supplies need to be used; when the violation/situation occurred; when the 
system will resolve the violation/situation; what is being done to correct the problem; actions consumers can 
take; water system contact information; and language encouraging broader distribution of the notice. 


3 A copy of each type of notice that was distributed is attached to this certification form 


Certified bv: 

As a representative of the Public Water System (PWS) indicated above, I certify that public notification addressing 
the above violation/situation was distributed to all customers in accordance with the prescribed content, format, 
deadlines and delivery requirements outlined in Chapter 25 Pa. Code Chapter 109 Subchapter D of the Department 
of Environmental Protection^^DEPJ's regulations. 



Signature: 


Print Name and Title: Mark Stewart, Public Works Leader 


Date: 10/30/2019 


Phone Number: 412-264-1977 


Complete and submit this form to your local DEP office within 10 days of issuing the public notification described 
above. DEP District Office and County Health Department contact information can be found within DEP document 
number 3930-FM-BSDW0560, which can be located by searching for document number 3930-FM-BSDW0560 in 
DEP’s eLibrary at the following link: http://www.depqreenoort.state.pa.us/elibrarv/Search . 


For DEP use only. Checked by: _ Date: 































3930-FM-BSDW0199 10/2015 


DRINKING WATER WARNING 
DO NOT USE THE WATER 

NO USE EL AGUA 

ESTE INFORME CONTIENE INFORMACION IMPORTANTE ACERCA DE SU AGUA POTABLE. HAGA QUE 
ALGUIEN LO TRADUZCA PARA USTED, O HABLE CON ALGUIEN QUE LO ENTIENDA. 


An industrial water meter recorded a backflow into the water system of approximately 2,000 gallons. The content of 
this backflow is unknown at this time. 


What should I do? 

DO NOT USE THE WATER. Use bottled water or alternative sources for drinking, bathing, hand washing, making 
ice, brushing teeth, washing dishes, cooking, or food preparation until further notice. 


DO NOT BOIL THE WATER. As the content of the backflow is currently unknown, boiling, freezing, filtering, or 
letting water stand is not recommended as a precautionary measure. 


If you have specific health concerns, you may wish to consult your doctor. 

What happened? What is being done? 

An industrial water meter recorded a backflow into the water system of approximately 2,000 gallons. The content of 
this backflow is unknown at this time but there is a threat of contamination. The service to the industrial user was 
closed to prevent further risk of backflow. The Township is investigating the source of the backflow and consulting 
with the Pennsylvania Department of Environmental Protection. 


Drinking water will be available at the Neville Island Fire Department located at 5300 Grand Avenue, Neville Island, 
PA. 15225. 


We’ll let you know when this Drinking Water Notice has been resolved. 

For more information, please contact: Neville Township 

at 412-264-1977 

Please share this information with all the other people who drink this water, especially those who 
may not have received this notice directly (for example, people in apartments, nursing homes, 
schools, and businesses). You can do this by posting this notice in a public place or distributing 
copies by hand or mail. 


This notice is being sent to you by Neville Township. 


PWS ID#: 5020029 


Date distributed: 10/22/19 
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ATTACHMENT C 

“DO NOT DRINK THE WATER” / 
PN CERTIFICATION (10-23-2019) 













3930-FM-BSDW0076 Rev. 4/2019 



Pennsylvania 

DEPARTMENT OF ENVIRONMENTAL 
PROTECTION 


COMMONWEALTH OF PENNSYLVANIA 
DEPARTMENT OF ENVIRONMENTAL PROTECTION 
BUREAU OF SAFE DRINKING WATER 


PUBLIC NOTIFICATION (PN) CERTIFICATION FORM 

Public Water System Name: Township of Neville _ PWSID Number: 5020029 _ 

Date of Violation/Situation: 10/22/2019 _ 

Description of Violation/Situation: “Do Not Drink The Water”, Industrial water meter recorded a backflow on/or about 1 0- 
22-2019. The content of this backflow was determined to originate from a fire suppression system. 

Notified DEP (or CHD) within 1 hour Date or NA: 10/23/2019 _ 

Consulted with DEP within 24 hours Date or NA: 10/23/2019 _ 

PN Level: Tier 1 D Tier 2 □ Tier 3 

Type of notice addressed by this certification: □ Initial K Repeat 

Methods and date of public notice deliveries to customers: 

Method: Reverse 911 System _ Date: 10/23/2019 _ 

Method: Posting on Township Website _ Date: 10/23/2019 _ 

Method: ___ Date: _ 

Method: ___Date: _ 


[3 The public notice included the required elements: a description of the violation/situation; potential health effects; 
the population at risk; if alternate water supplies need to be used; when the violation/situation occurred; when the 
system will resolve the violation/situation; what is being done to correct the problem; actions consumers can 
take; water system contact information; and language encouraging broader distribution of the notice. 

[El A copy of each type of notice that was distributed is attached to this certification form 


Certified bv: 


As a representative of the Public Water System (PWS) indicated above, I certify that public notification addressing 
the above violation/situation was distributed to all customers in accordance with the prescribed content, format, 
deadlines and delivery requirements outlined in Chapter 25 Pa. Code Chapter 109 Subchapter D of the Department 



Phone Number: 412-264-1977 


Complete and submit this form to your local DEP office within 10 days of issuing the public notification described 
above. DEP District Office and County Health Department contact information can be found within DEP document 
number 3930-FM-BSDW0560, which can be located by searching for document number 3930-FM-BSDW0560 in 
DEP’s eLibrary at the following link: http://www.depqreenport.state.pa.us/elibrary/Search . 


For DEP use only. Checked by:_Date: 
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DRINKING WATER WARNING 
DO NOT DRINK THE WATER 


NO BEBA EL AGUA 

ESTE INFORME CONTIENE INFORMACI6N IMPORTANTE ACERCA DE SU AGUA POTABLE. HAGA QUE 
ALGUIEN LO TRADUZCA PARA USTED, O HABLE CON ALGUIEN QUE LO ENTIENDA. 


An industrial water meter recorded a backflow on/or about 10-22-19 into the potable water system of approximately 
2,000 gallons. The content of this backflow was determined to originate from a fire suppression system. 


What should I do? 

DO NOT DRINK THE WATER. Use bottled water or alternative sources for drinking, cooking, or food preparation 
until further notice. Throw away ice cubes if made with tap water. 


DO NOT BOIL THE WATER. Boiling, freezing, filtering, or letting the water stand is not recommended. This will not 
reduce the risk. 


If you have specific health concerns, you may wish to consult your doctor. 


What happened? What is being done? 

An industrial water meter recorded a backflow into the water system from a Fire Suppression System. The service to 
the industrial user was closed to prevent further risk of backflow. The Township and the Pennsylvania Department of 
Environmental Protection are sampling the water system to determine if a contamination event occurred. The "Do 
Not Use The Water” notice issued on 10-22-2019 was revised to a “Do not Drink The Water" notice. Accordingly, 
bathing, hand washing, brushing teeth, and washing dishes is not prohibited at this time. 


Drinking water will be available at the Neville Island Fire Department located at 5300 Grand Avenue, Neville Island, 
PA. 15225. 


We’ll let you know when this Drinking Water Notice has been resolved. 

For more information, please contact: Neville Township 

at 412-264-1977 

Please share this information with all the other people who drink this water, especially those who 
may not have received this notice directly (for example, people in apartments, nursing homes, 
schools, and businesses). You can do this by posting this notice in a public place or distributing 
copies by hand or mail. 


This notice is being sent to you by Neville Township. 


PWS ID#: 5020029 


Date distributed: 10/22/19 
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“PROBLEM CORRECTED” / 
PN CERTIFICATION (10-25-2019) 
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Pennsylvania 

DEPARTMENT OF ENVIRONMENTAL 
PROTECTION 

PUBLIC NOTIFICATION (PN) CERTIFICATION FORM 

Public Water System Name: Township of Neville _ PWSID Number: 5020029 _ 

Date of Violation/Situation: 10/22/2019 _ 

Description of Violation/Situation: “Problem Corrected’’, Industrial water meter recorded a backflow on/or about 10-22- 
2019. The content of this backflow was determined to originate from a fire suppression system. 



COMMONWEALTH OF PENNSYLVANIA 
DEPARTMENT OF ENVIRONMENTAL PROTECTION 
BUREAU OF SAFE DRINKING WATER 


Notified DEP (or CHD) within 1 hour Date or NA: 10/25/2019 

Consulted with DEP within 24 hours Date or NA: 10/25/2019 

PN Level: [X] Tier 1 □ Tier 2 □ Tier 3 

Type of notice addressed by this certification: £3 Initial Q Repeat 

Methods and date of public notice deliveries to customers: 


Method: Door-to-Door distribution to all customers _ Date: 

Method: Reverse 911 System _ Date: 

Method: Media Alert through Allegheny County Emergency Services Date: 
Method: Phone call to Special Needs Residents and Critical Facilities Date: 


10/25/2019 

10/25/2019 

10/25/2019 

10/22/2019 


K! The public notice included the required elements: a description of the violation/situation; potential health effects; 
the population at risk; if alternate water supplies need to be used; when the violation/situation occurred; when the 
system will resolve the violation/situation; what is being done to correct the problem; actions consumers can 
take; water system contact information; and language encouraging broader distribution of the notice. 

^ A copy of each type of notice that was distributed is attached to this certification form 


Certified bv: 

As a representative of the Public Water System (PWS) indicated above, I certify that public notification addressing 
the above violation/situation was distributed to all customers in accordance with the prescribed content, format, 
deadlines and delivery requirements outlined in Chapter 25 Pa. Code Chapter 109 Subchapter D of the Department 



Phone Number: 412-264-1977 


Complete and submit this form to your local DEP office within 10 days of issuing the public notification described 
above. DEP District Office and County Health Department contact information can be found within DEP document 
number 3930-FM-BSDW0560, which can be located by searching for document number 3930-FM-BSDW0560 in 
DEP’s eLibrary at the following link: http://www.depqreenport.state.pa.us/elibrarv/Search . 


For DEP use only. Checked by: _ Date: 
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DRINKING WATER PROBLEM CORRECTED 

IMPORTANT INFORMATION ABOUT YOUR DRINKING WATER 

ESTE INFORME CONTIENE INFORMACION IMPORTANTE ACERCA DE SU AGUA POTABLE. HAGA QUE 
ALGUIEN LO TRADUZCA PARA USTED, 0 HABLE CON ALGUIEN QUE LO ENTIENDA. 


As a customer of the Township of Neville, you were notified on October 22, 2019 and October 23, 2019 of 
a problem with our drinking water and were advised on October 23, 2019 to “Do Not Drink the Water”. 
This was the result of a metered backflow into the water distribution system from an industrial fire 
suppression system that included a fire fighting foam system. 

We are pleased to report that the water quality testing conducted by the Township and by the 
Pennsylvania Department of Environmental Protection has found that the your drinking water meets US 
EPA safe drinking water standards as well as US EPA health advisory levels for the components of the fire 
fighting foam which may have entered the system. The problem has been corrected and the “Do Not 
Drink the Water” notice/restriction has been removed for all customers. 

We apologize for any inconvenience and thank you for your patience. 

As always, you may contact: Neville Township 

at 412-264-1977 


Please share this information with all the other people who drink this water, especially those who 
may not have received this notice directly (for example, people in apartments, nursing homes, 
schools, and businesses). You can do this by posting this notice in a public place or distributing 
copies by hand or mail. 


This notice is being sent to you by Neville Township. 


PWSID#: 5020029 


Date distributed: October 25, 2019 


ATTACHMENT E 

PFAS SAMPLING RESULTS 
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ANALYSIS REPORT 


Prepared by: 


Prepared for: 


Eurofins Lancaster Laboratories Environmental 
2425 New Holland Pike 
Lancaster, PA 17601 


Neville Township 
5050 Grand Ave 
Pittsburgh PA 15225 


Report Date: October 25, 2019 09:10 

Project: AFFF 


Account#: 44902 
Group Number: 2070557 
PO Number: 24021888 
State of Sample Origin: PA 


Electronic Copy To 
Electronic Copy To 
Electronic Copy To 
Electronic Copy To 


Lennon, Smith, Souleret Eng 
Lennon Smith Souleret Eng 
Lennon Smith Souleret Eng 
Neville Township 


Attn: Ned Mitrovich 
Attn: Larry Lennon 
Attn: Drew Null 
Attn: Jeanne Creese 


Respectfully Submitted, 




Marrissa Wiliams 
Project Manager 

(717)556-7246 


To view our laboratory's current scopes of accreditation please go to https://www.eurofinsus.com/environment- 
testinq/laboratories/eurofins-lancaster-laboratories-environmental/certifications-and-accreditations-eurofins-lancaster-laboratories- 

environmental/ . Historical copies may be requested through your project manager. 
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SAMPLE INFORMATION 


Client Sample Description 

Sample Collection 

Date/Time 

ELLE# 

1-716 Grab Water 

10/23/2019 17:48 

1181761 

2-716 Grab Field Blank Water 

10/23/2019 17:51 

1181762 

5-712 Grab Water 

10/23/2019 18:09 

1181765 

8-712 Grab Field Blank Water 

10/23/2019 18:11 

1181768 

9-713 Grab Water 

10/23/2019 18:21 

1181769 

11-713 Grab Field Blank Water 

10/23/2019 18:22 

1181771 

The specific methodologies used in obtaining the enclosed analytical results are indicated on the 
Sample Analysis Record. 

Laboratory 
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Sample Description: 

Project Name: 

Submittal Date/Time: 
Collection Date/Time: 


1-716 Grab Water 
AFFF 

AFFF 

10/23/2019 22:45 
10/23/2019 17:48 


Neville Township 
ELLE Sample#: PW 1181761 

ELLE Group #: 2070557 

Matrix: Water 


CAT 

No. 

Analysis Name 

CAS Number 

Result 

Method 

Detection Limit* 

Limit of 
Quantitation 

Dilution 

Factor 

LC/MS/MS Miscellaneous EPA 537 Version 1.1 

ng/l 

ng/l 

ng/l 


14070 

Perfluorobutanesulfonic acid 

375-73-5 

0.92 J 

0.45 

1.8 

1 

14070 

Perfluoroheptanoic acid 

375-85-9 

0.57 J 

0.45 

1.8 

1 

14070 

Perfluorohexanesulfonic acid 

355-46-4 

0.48 J 

0.45 

1.8 

1 

14070 

Perfluorononanoic acid 

375-95-1 

N.D. 

0.45 

1.8 

1 

14070 

Perfluorooctanesulfonic acid 

1763-23-1 

1.2 J 

0.45 

1.8 

1 

14070 

Perfluorooctanoic acid 

335-67-1 

1.3 J 

0.45 

1.8 

1 


Laboratory Sample Analysis Record 


CAT 

Analysis Name 

Method 

Trial# 

Batch# 

Analysis 

Analyst 

Dilution 

No. 




Date and Time 


Factor 

14070 

6 PFAS - Emergency 

EPA 537 Version 1.1 

1 

19297008 

10/24/2019 19:25 

Marissa C Drexinger 

1 

14381 

DW PFAS Prep 

EPA 537 Version 1.1 

1 

19297008 

10/24/2019 06:45 

Pamela Rothharpt 

1 


-This limit was used in the evaluation of the final result 
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2426 New Holland Pike, Lancaster, PA 17601 • 717-666-2300 « Fax: 717-666-47(6 • wwiv.EurorBisUS.com/LafVcLabiEnv 


Sample Description: 2-716 Grab Field Blank Water 
AFFF 


Project Name: AFFF 


Submittal Date/Time: 10/23/2019 22:45 

Collection Date/Time: 10/23/2019 17:51 


Neville Township 
ELLE Sample#: PW 1181762 

ELLE Group #: 2070557 

Matrix: Field Blank Water 


CAT 

No. 

Analysis Name 

CAS Number 

Result 

Method 

Detection Limit* 

Limit of 
Quantitation 

Dilution 

Factor 

LC/MS/MS Miscellaneous EPA 537 Version 1.1 

ng/l 

ng/l 

ng/l 


14070 

Perfluorobutanesulfonic acid 

375-73-5 

N.D. 

0.46 

1.8 

1 

14070 

Perfluoroheptanoic acid 

375-85-9 

N.D. 

0.46 

1.8 

1 

14070 

Perfluorohexanesulfonic acid 

355-46-4 

N.D. 

0.46 

1.8 

1 

14070 

Perfluorononanoic acid 

375-95-1 

N.D. 

0.46 

1.8 

1 

14070 

Perfluorooctanesulfonic acid 

1763-23-1 

N.D. 

0.46 

1.8 

1 

14070 

Perfluorooctanoic acid 

335-67-1 

N.D. 

0.46 

1.8 

1 


Laboratory Sample Analysis Record 


CAT 

No. 

Analysis Name 

Method 

Trial# 

Batch# 

Analysis 

Date and Time 

Analyst 

Dilution 

Factor 

14070 

6 PFAS - Emergency 

EPA 537 Version 1.1 

1 

19297008 

10/24/2019 19:36 

Marissa C Drexinger 

1 

14381 

DW PFAS Prep 

EPA 537 Version 1.1 

1 

19297008 

10/24/2019 06:45 

Pamela Rothharpt 

1 


‘=This limit was used in the evaluation of the final result 
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Sample Description: 

Project Name: 

Submittal Date/Time: 
Collection Date/Time: 


5-712 Grab Water 
AFFF 

AFFF 

10/23/2019 22:45 
10/23/2019 18:09 


Neville Township 
ELLE Sample #: PW 1181765 

ELLE Group #: 2070557 

Matrix: Water 


CAT 

No. 

Analysis Name 

CAS Number 

Result 

Method 

Detection Limit* 

Limit of 
Quantitation 

Dilution 

Factor 

LC/MS/MS Miscellaneous EPA 537 Version 1.1 

ng/l 

ng/l 

ng/l 


14070 

Perfluorobutanesulfonic acid 

375-73-5 

0.93 J 

0.44 

1.8 

1 

14070 

Perfluoroheptanoic acid 

375-85-9 

0.57 J 

0.44 

1.8 

1 

14070 

Perfluorohexanesulfonic acid 

355-46-4 

N.D. 

0.44 

1.8 

1 

14070 

Perfluorononanoic acid 

375-95-1 

N.D. 

0.44 

1.8 

1 

14070 

Perfluorooctanesulfonic acid 

1763-23-1 

1.1 J 

0.44 

1.8 

1 

14070 

Perfluorooctanoic acid 

335-67-1 

1.2 J 

0.44 

1.8 

1 


Laboratory Sample Analysis Record 


CAT 

No. 

Analysis Name 

Method 

Trial# 

Batch# 

Analysis 

Date and Time 

Analyst 

Dilution 

Factor 

14070 

6 PFAS - Emergency 

EPA 537 Version 1.1 

1 

19297008 

10/24/2019 19:48 

Marissa C Drexinger 

1 

14381 

DW PFAS Prep 

EPA 537 Version 1.1 

1 

19297008 

10/24/2019 06:45 

Pamela Rothharpt 

1 


-This limit was used in the evaluation of the final result 
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Sample Description: 8-712 Grab Field Blank Water 
AFFF 


Project Name: AFFF 


Submittal Date/Time: 10/23/2019 22:45 
Collection Date/Time: 10/23/2019 18:11 


Neville Township 
ELLE Sample #: PW 1181768 

ELLE Group #: 2070557 

Matrix: Field Blank Water 


CAT 

No. 

Analysis Name 

CAS Number 

Result 

Method 

Detection Limit* 

Limit of 
Quantitation 

Dilution 

Factor 

LC/MS/MS Miscellaneous EPA 537 Version 1.1 

ng/l 

ng/l 

ng/l 


14070 

Perfluorobutanesulfonic acid 

375-73-5 

N.D. 

0.44 

1.8 

1 

14070 

Perfluoroheptanoic acid 

375-85-9 

N.D. 

0.44 

1.8 

1 

14070 

Perfluorohexanesulfonic acid 

355-46-4 

N.D. 

0.44 

1.8 

1 

14070 

Perfluorononanoic acid 

375-95-1 

N.D. 

0.44 

1.8 

1 

14070 

Perfluorooctanesulfonic acid 

1763-23-1 

N.D. 

0.44 

1.8 

1 

14070 

Perfluorooctanoic acid 

335-67-1 

N.D. 

0.44 

1.8 

1 


Laboratory Sample Analysis Record 


CAT 

No. 

Analysis Name 

Method 

Trial# 

Batch# 

Analysis 

Date and Time 

Analyst 

Dilution 

Factor 

14070 

6 PFAS - Emergency 

EPA 537 Version 1.1 

1 

19297008 

10/24/2019 19:59 

Marissa C Drexinger 

1 

14381 

DW PFAS Prep 

EPA 537 Version 1.1 

1 

19297008 

10/24/2019 06:45 

Pamela Rothharpt 

1 


*=This limit was used in the evaluation of the final result 
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Sample Description: 

Project Name: 

Submittal Date/Time: 
Collection Date/Time: 


9-713 Grab Water 
AFFF 

AFFF 

10/23/2019 22:45 
10/23/2019 18:21 


Neville Township 
ELLE Sample#: PW 1181769 

ELLE Group #: 2070557 

Matrix: Water 


CAT 

No. 

Analysis Name 

CAS Number 

Result 

Method 

Detection Limit* 

Limit of 
Quantitation 

Dilution 

Factor 

LC/MS/MS Miscellaneous EPA 537 Version 1.1 

ng/l 

ng/l 

ng/l 


14070 

Perfluorobutanesulfonic acid 

375-73-5 

0.86 J 

0.44 

1.8 

1 

14070 

Perfluoroheptanoic acid 

375-85-9 

0.58 J 

0.44 

1.8 

1 

14070 

Perfluorohexanesulfonic acid 

355-46-4 

0.62 J 

0.44 

1.8 

1 

14070 

Perfluorononanoic acid 

375-95-1 

N.D. 

0.44 

1.8 

1 

14070 

Perfluorooctanesulfonic acid 

1763-23-1 

1.1 J 

0.44 

1.8 

1 

14070 

Perfluorooctanoic acid 

335-67-1 

1.3 J 

0.44 

1.8 

1 


Laboratory Sample Analysis Record 


CAT 

Analysis Name 

Method 

Trial# 

Batch# 

Analysis 

Analyst 

Dilution 

No. 




Date and Time 


Factor 

14070 

6 PFAS - Emergency 

EPA 537 Version 1.1 

1 

19297008 

10/24/2019 20:11 

Marissa C Drexinger 

1 

14381 

DW PFAS Prep 

EPA 537 Version 1.1 

1 

19297008 

10/24/2019 06:45 

Pamela Rothharpt 

1 


*=This limit was used in the evaluation of the final result 
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Sample Description: 11-713 Grab Field Blank Water 
AFFF 


Project Name: AFFF 


Submittal Date/Time: 10/23/2019 22:45 
Collection Date/Time: 10/23/2019 18:22 


Neville Township 
ELLE Sample#: PW 1181771 

ELLE Group #: 2070557 

Matrix: Field Blank Water 


CAT 

No. 

Analysis Name 

CAS Number 

Result 

Method 

Detection Limit* 

Limit of 
Quantitation 

Dilution 

Factor 

LC/MS/MS Miscellaneous EPA 537 Version 1.1 

ng/l 

ng/l 

ng/l 


14070 

Perfluorobutanesulfonic acid 

375-73-5 

N.D. 

0.45 

1.8 

1 

14070 

Perfluoroheptanoic acid 

375-85-9 

N.D. 

0.45 

1.8 

1 

14070 

Perfluorohexanesulfonic acid 

355-46-4 

N.D. 

0.45 

1.8 

1 

14070 

Perfluorononanoic acid 

375-95-1 

N.D. 

0.45 

1.8 

1 

14070 

Perfluorooctanesulfonic acid 

1763-23-1 

N.D. 

0.45 

1.8 

1 

14070 

Perfluorooctanoic acid 

335-67-1 

N.D. 

0.45 

1.8 

1 


Laboratory Sample Analysis Record 


CAT 

No. 

Analysis Name 

Method 

Trial# 

Batch# 

Analysis 

Date and Time 

Analyst 

Dilution 

Factor 

14070 

6 PFAS - Emergency 

EPA 537 Version 1.1 

1 

19297008 

10/24/2019 20:22 

Marissa C Drexinger 

1 

14381 

DW PFAS Prep 

EPA 537 Version 1.1 

1 

19297008 

10/24/2019 06:45 

Pamela Rothharpt 

1 


*=This limit was used in the evaluation of the final result 
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Quality Control Summary 


Client Name: Neville Township Group Number: 2070557 

Reported: 10/25/2019 09:10 


Matrix QC may not be reported if insufficient sample or site-specific QC samples were not submitted. In these situations, to demonstrate precision and accuracy at a 
batch level, a LCS/LCSD was performed, unless otherwise specified in the method. 

All Inorganic Initial Calibration and Continuing Calibration Blanks met acceptable method criteria unless otherwise noted on the Analysis Report. 


Method Blank 


Analysis Name 

Result 

MDL** 

LOQ 







ng/l 

ng/l 

ng/l 






Batch number: 19297008 

Sample number(s): 1181761-1181762,1181765,1181768-1181769,1181771 




Perfluorobutanesulfonic acid 

N.D. 

0.50 

2.0 






Perfluoroheptanoic acid 

N.D. 

0.50 

2.0 






Perfluorohexanesulfonic acid 

N.D. 

0.50 

2.0 






Perfluorononanoic acid 

N.D. 

0.50 

2.0 






Perfluorooctanesulfonic acid 

N.D. 

0.50 

2.0 






Perfluorooctanoic acid 

N.D. 

0.50 

2.0 









LCS/LCSD 






Analysis Name 

LCS Spike 

LCS 

LCSD Spike LCSD 

LCS 

LCSD 

LCS/LCSD 

RPD 

RPD 

Added 

Cone 

Added Cone 

%REC 

%REC 

Limits 


Max 


ng/l 

ng/l 

ng/l ng/l 






Batch number: 19297008 

Sample number(s): 1181761- 

-1181762,1181765,1181768-1181769,1181771 





Perfluorobutanesulfonic acid 

70.8 

67.12 

70.8 60.86 

95 

86 

70-130 

10 

30 

Perfluoroheptanoic acid 

80 

66.77 

80 70.11 

83 

88 

70-130 

5 

30 

Perfluorohexanesulfonic acid 

72.96 

68.93 

72.96 66.54 

94 

91 

70-130 

4 

30 

Perfluorononanoic acid 

80 

72.07 

80 72.07 

90 

90 

70-130 

0 

30 

Perfluorooctanesulfonic acid 

74.04 

68.15 

74.04 63.77 

92 

86 

70-130 

7 

30 

Perfluorooctanoic acid 

80 

71.95 

80 69.95 

90 

87 

70-130 

3 

30 


Surrogate Quality Control 

Surrogate recoveries which are outside of the QC window are confirmed unless 
attributed to dilution or otherwise noted on the Analysis Report. 


Analysis Name: 6 PFAS - Emergency 
Batch number: 19297008 



13C2-PFHxA 

13C2-PFDA 

D5-NetFOSAA 

1181761 

88 

99 

84 

1181762 

96 

101 

95 

1181765 

89 

98 

90 

1181768 

102 

103 

92 

1181769 

90 

107 

89 


*- Outside of specification 

**-This limit was used in the evaluation of the final result for the blank 

(1) The result for one or both determinations was less than five times the LOQ. 

(2) The unspiked result was more than four times the spike added. 
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Analysis Report 


Quality Control Summary 

Client Name: Neville Township Group Number: 2070557 

Reported: 10/25/2019 09:10 


Surrogate Quality Control 


Surrogate recoveries which are outside of the QC window are confirmed unless 
attributed to dilution or otherwise noted on the Analysis Report. 


Analysis Name: 6 PFAS - Emergency 
Batch number: 19297008 





13C2-PFHxA 

13C2-PFDA 

D5-NetF0SAA 


1181771 

98 

106 

97 


Blank 

93 

100 

84 


LCS 

90 

99 

84 


LCSD 

93 

99 

82 


Limits: 

70-130 

70-130 

70-130 



*- Outside of specification 

**-This limit was used in the evaluation of the final result for the blank 

(1) The result for one or both determinations was less than five times the LOQ. 

(2) The unspiked result was more than four times the spike added. 
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Sample Administration 
Receipt Documentation Log 


Doc Log ID: 263821 

*263 821 * 

Group Number(s): 


Client: Neville Township 


<30 ~7 066 7 


Delivery and Receipt Information 

Delivery Method: 

Client Drop Off 

Arrival Date: 10/23/2019 

Number of Packages: 

1 

Number of Projects: 1 


Arrival Condition Summary 

Shipping Container Sealed: 

Yes 

Sample IDs on COC match Containers: Yes 

Custody Seal Present: 

Yes 

Sample Date/Times match COC: Yes 

Custody Seal Intact: 

Yes 

Total Trip Blank Qty: 0 

Samples Chilled: 

Yes 

Air Quality Samples Present: No 

Paperwork Enclosed: 

Yes 


Samples Intact: 

Yes 


Missing Samples: 

No 


Extra Samples: 

No 


Discrepancy in Container Qty on COC: No 

Unpacked by Shalynn Ponzo 



Samples Chilled Details 

DT = Digital (Temp. Bottle) IR = Infrared (Surface Temp) All Temperatures in °C. 


Thermometer Types: 


Cooler # Matrix Thermometer IP Corre cte d Tem p Therm. Type 

1 Water 192099059 2.9 IR 


Icelyp-e Ice Pres ent? Ice Container Elevated Temp? 
Wet Y Loose N 
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Explanation of Symbols and Abbreviations 
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The following defines common symbols and abbreviations used in reporting technical data: 


BMQL 

Below Minimum Quantitation Level 

mL 

milliliter(s) 

C 

degrees Celsius 

MPN 

Most Probable Number 

cfu 

colony forming units 

N.D. 

non-detect 

CP Units 

cobalt-chloroplatinate units 

ng 

nanogram(s) 

F 

degrees Fahrenheit 

NTU 

nephelometric turbidity units 

9 

gram(s) 

pg/L 

picogram/liter 

IU 

International Units 

RL 

Reporting Limit 

kg 

kilogram(s) 

TNTC 

Too Numerous To Count 

L 

liter(s) 

pg 

microgram(s) 

lb. 

pound(s) 

pL 

microliter(s) 

m3 

cubic meter(s) 

umhos/cm 

micromhos/cm 

meq 

milliequivalents 

MCL 

Maximum Contamination Limit 

mg 

milligram(s) 



< 

less than 



> 

greater than 



ppm 

parts per million - One ppm is equivalent to one milligram per kilogram (mg/kg) or one gram per million grams. For 
aqueous liquids, ppm is usually taken to be equivalent to milligrams per liter (mg/I), because one liter of water has a weight 
very close to a kilogram. For gases or vapors, one ppm is equivalent to one microliter per liter of gas. 

PPb 

parts per billion 



Dry weight 

Results printed under this heading have been adjusted for moisture content. This increases the analyte weight 

basis 

concentration to approximate the value present in a similar sample without moisture. All other results are reported on an 


as-received basis. 


Analytical test results meet all requirements of the associated regulatory program (i.e., NELAC (TNI), DoD, and ISO 17025) unless 
otherwise noted under the individual analysis. 

Measurement uncertainty values, as applicable, are available upon request. 

Tests results relate only to the sample tested. Clients should be aware that a critical step in a chemical or microbiological analysis is the 
collection of the sample. Unless the sample analyzed is truly representative of the bulk of material involved, the test results will be 
meaningless. If you have questions regarding the proper techniques of collecting samples, please contact us. We cannot be held 
responsible for sample integrity, however, unless sampling has been performed by a member of our staff. 

This report shall not be reproduced except in full, without the written approval of the laboratory. 

Times are local to the area of activity. Parameters listed in the 40 CFR Part 136 Table II as “analyze immediately” are not performed within 
15 minutes. 


WARRANTY AND LIMITS OF LIABILITY - In accepting analytical work, we warrant the accuracy of test results for the sample as submitted. 
THE FOREGOING EXPRESS WARRANTY IS EXCLUSIVE AND IS GIVEN IN LIEU OF ALL OTHER WARRANTIES, EXPRESSED OR 
IMPLIED. WE DISCLAIM ANY OTHER WARRANTIES, EXPRESSED OR IMPLIED, INCLUDING A WARRANTY OF FITNESS FOR 
PARTICULAR PURPOSE AND WARRANTY OF MERCHANTABILITY. IN NO EVENT SHALL EUROFINS LANCASTER LABORATORIES 
ENVIRONMENTAL, LLC BE LIABLE FOR INDIRECT, SPECIAL, CONSEQUENTIAL, OR INCIDENTAL DAMAGES INCLUDING, BUT NOT 
LIMITED TO, DAMAGES FOR LOSS OF PROFIT OR GOODWILL REGARDLESS OF (A) THE NEGLIGENCE (EITHER SOLE OR 
CONCURRENT) OF EUROFINS LANCASTER LABORATORIES ENVIRONMENTAL AND (B) WHETHER EUROFINS LANCASTER 
LABORATORIES ENVIRONMENTAL HAS BEEN INFORMED OF THE POSSIBILITY OF SUCH DAMAGES. We accept no legal 
responsibility for the purposes for which the client uses the test results. No purchase order or other order for work shall be accepted by 
Eurofins Lancaster Laboratories Environmental which includes any conditions that vary from the Standard Terms and Conditions, and 
Eurofins Lancaster Laboratories Environmental hereby objects to any conflicting terms contained in any acceptance or order submitted by 
client. 
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Data Qualifiers 

Qualifier 

C 

D1 

D2 

E 

K1 

K2 

K3 

K4 

J (or G, 1, X) 

P 

P A 

U 

V 

Definition 

Result confirmed by reanalysis 

Indicates for dual column analyses that the result is reported from column 1 

Indicates for dual column analyses that the result is reported from column 2 

Concentration exceeds the calibration range 

Initial Calibration Blank is above the QC limit and the sample result is ND 

Continuing Calibration Blank is above the QC limit and the sample result is ND 

Initial Calibration Verification is above the QC limit and the sample result is ND 

Continuing Calibration Verification is above the QC limit and the sample result is ND 

Estimated value >= the Method Detection Limit (MDL or DL) and < the Limit of Quantitation (LOQ or RL) 
Concentration difference between the primary and confirmation column >40%. The lower result is reported. 
Concentration difference between the primary and confirmation column > 40%. The higher result is reported. 
Analyte was not detected at the value indicated 

Concentration difference between the primary and confirmation column >100%. The reporting limit is raised 
due to this disparity and evident interference. 

W 

Z 

B 

QO 

Q1 

Q2 

Q3 

Q7 

Q8 

Q9 

The dissolved oxygen uptake for the unseeded blank is greater than 0.20 mg/L. 

Laboratory Defined - see analysis report 

Detection in the Blank 

LCS/LCSD Low 

LCS/LCSD High 

MS/MSD Low 

MS/MSD High 

LCS/LCSD RPD 

DUP RPD 

MS/MSD RPD 


Additional Organic and Inorganic CLP qualifiers may be used with Form 1 reports as defined by the CLP methods. 
Qualifiers specific to Dioxin/Furans and PCB Congeners are detailed on the individual Analysis Report. 
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